SEE RISER OWG. E-23. 
* DWG E-21 FOR 
CONTINUATION 


j|4jA> to Building 



5-4" CONDUITS. - 
4#500KCUIl. ft 

tf*/0 CNO WIRE. 

CABLE TAP BOX, 


€1 


EXISTING 120/208V 
BUSWAY TO REMAIN 


EXIST. PANELBOARD 
TO REMAIN 


REMOVE 1 EXIST PLUG-IN 

DISC. SWITCHES ft RE- INSTALL 
AFTER COMPLETION OF ELEC. 
CLOSET WORK. 


DISCONNECT ft REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWfTCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 

EXISTING CONDUIT 

TO REMAIN 


TRANSITION BOX. 

SEE G£*£RAL NOTES 9. 
DWG E-1. 

TO EXISTING UGHTING PANEL 


ctoi im to*) — - — I \ _. ... 


STRUCTURAL 
TRUSS 


■ROUTE BUSDUCT 
THRU TRUSS 


85 EAST PLAN 


SEE RISER DWG E-23 ft 
DWG E-21 FOR CONT. 

5-4" CONDUITS. 
4#5O0KCMIL. ft 
1#4/0 GNO WIRE. 


CABLE TAP BOX. 

EXISTING LIGHT 
FIXTURE TO 
REMAIN 


^STRUCTURAfc^ 
TRUSS 


65 EAST PLAN 


EXIST CDT 
TO REMAIN 


•CHILLED WATER 
PIPING TO 
REMAIN . 


EXIST CONDUIT 
TO REMAIN 

2000A COPPER 
BUSWAY. SEE 
GEN. NOTE #7. 
DWG E-1. 


SEE GENERAL NOTE #9. 
DWG E-1. 

SSlh. FLOOR 


EXISTING 
DOOR 



SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEILING AREA 
TYPE *D* 


BUStti 

ay swrr 

5H REPLACEMENT 8CHEDULE 

I 

EXIST. SW. 
SIZE 

EXIST. FUSE 
RATING 

NEW BREAKER 
RATING 

NEW 

NEW 

COT 

REMARKS 

86-1 

2Q0A 

125A 

22SAF/125AT 




85-1 

200A 

125A 

225AF/125AT 

4#1 CU 

i Var 


66-1 

200A 

20OA 

225AF/200AT 

4#3/0 CU 

r 


66-2 

20QA 

125A 

225AF/125AT 

4|1 CU 

1 1 /2" 


66-3 

2O0A 

200A 

22SAF/200AT 

4#3/0 CO 

T 


65-1 

200A 

200A 

225AF/200AT 

4#3/0 CU 

T 


$5-2 

200A 

125A 

225AF/125AT 

4|1 CU 

1 Var 



CEIUNG 
CONSTRUCTION 

SHEETROCK 


TO EXISTING LIGHTING PANEL. 1 


2O00A COPPER 
3».4W,277V PLUG IN 
DISCONNECT SWITCHES 
BUSWAY 

DISCONNECT ft REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 

SEE GENERAL NOTE #9. 
DWG E-1. 

85th. FLOOR 

REMOVE EXISTING 1600A ALUMINUM BUSWAY. 
SEE GENERAL NOTE #13 ft 14 DWG E-1. 

EXISTING BUSWAY 
TO REMAIN (TYP) 

84th. FLOOR 


NOTES: 

1. SEE DRAWING E-1 FOR BUSWAY SCHEDULE * GENERAL NOTES. 

2. INTERCEPT EXISTING PANELBOARD FEEDERS, SERVING TENANT SPACE 
PANELBOAROS, IN TENANT HUNG CEILING AREA. PROVIDE PULLBOX. 
FOR SPLICING. 


85th FLOOR SECTION A-A 
& PART RISER 



TO CIRCUIT BREAKER 
#65-1. SEE SCHEDULE 
ON THIS DRAWING FOR 
FEEDER SIZE 

20O0A COPPER 
BUSWAY. SEE 
GEN. NOTE #7. 
DWG E-1. 

REROUTE NEW CONDUIT 
ft CONDUCTORS OVER 
BUSWAY MATCH EXIST 
FEEDERS ft BRANCH 
CIRCUITS. 


FEEDER 

SPLICE BOX 
(TYP) 

CUT EXISTING 
CONDUIT ft 
PROVIDE NEW 
JUNCTION BOXES 
FOR SPICING 

1#4/0 TO BUILDING 
RISER 


SHE£TROCK 
EXISTING 


DOOR 



EXISTING 16O0A 
BUSWAY TO 
REMAIN. 

utilize existing 
busway floor 
supports. 

Cap existing busway. 
to tenant space 

to existing lighting panel.- 
to tenant space. 


SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEIUNG AREA 
TYPE 'D' 

CEILING 
CONSTRUCTION 


REMOVE 2 EXIST PLUG-IN 
DISC. SWITCHES ft RE- INSTALL 
AFTER COMPLETION OF ELEC. 
CLOSET WORK. 

67th. FLOOR 


HOLLOW BUSWAY 
ENCLOSURE TO ATTACH 
TO EXISTING BUSWAY 
STRUCTURAL SUPPORT. 

DISCONNECT ft REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 

SEE GENERAL NOTE #9. 
DWG E-1. 

6ft h, FLOOR 


DISCONNECT ft REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 

TO TENANT SPACE PANEL 
TO EXISTING LIGHTING PANEL. 

20OOA COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG E-1. 

SEE GENERAL NOTE #9. 
DWG E-1. 

6Sth. FLOOR 


\ 


1600A. 480/277V 

ALUMINUM. PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSWAY. 


-REMOVE EXISTING 1600A ALUMINUM BUSWAY. 
SEE GENERAL NOTE #13 ft 14 DWG E-1. 

■TRANSITION BOX. 


- REMOVE (3) EXIST PLUG-IN SWITCHES 
FROM EXISTING BUSWAY ft RE-INSTALL 
AFTER INSTALLATION OF REPLACEMENT 
BUSWAY. REPLACE EXISTING PANEL 
FEEDERS AS REQUIRED. 


ONE W0RL& 
UJahe (g) 


\ 


TWO WPftlO 

IBABE 


r 


EXISTING BUSWAY 
TO REMAIN (TYP) 

64th. FLOOR 


SHAFT ft 
ELEC. CL. 
AREAS 


65th FLOOR SECTION A-A 
& PART RISER 


WORK AREA KEY Pi AN 


Sttsst 


or 


41 
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